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STATUTES AT LARGE

[RULs

Item 5. Heating: Adequate heating facilities shall be furnished to maintain
correct temperature in all parts of classrooms and auditoriums. There shall be
correct methods for maintaining correct humidity.
Public Health Reason: A student that is too cold cannot do proper work and
is in danger of sickness from exposure. A student that is too warm will not be
as alert and will become drowsy easily. Improper humidity also causes drowsi-
ness.
Satisfactory Compliance: This item shall be deemed to have been satisfied if:
1. Adequate heating facilities are furnished to maintain a temperature of be-
tween 650F - 70oF in all parts of classrooms and auditoriums.
2. Thermometers are hung in all classrooms and at points in tile auditorium.
3. Water pans or correct methods of maintaining correct humidity are fur-
nished and maintained.
Item 6. Toilet Iacilities: At least two toilet rooms with adequate fixtures
must be provided, well separated, well lighted and ventilated. Floors shall be of
easily cleanable construction. In all schoolhouses hereafter constructed, if elec-
trification is available, all toilets shall be of the flush type, with disposal into
municipal sewage system or into s~ptic tank approved by the State Health
Officer. Where water and sewerage are available the toilet rooms shall be
equipped with approved sanitary plumbing. If water and sewerage are not
available the toilet accommodations shall be built with the approval of the
State Board of Health.
All toilet rooms and fixtures must be kept clean and in good repair at all
times, and toilet paper shall be supplied.
Public Health Rea.so,: The need of clean, adequate, correctly constructed
toilets is obvious.
Satisfactory Compliance: This item shall be deemed to have been satisfied if:
1. Not less than two toilet rooms have been provided.
2. They are well lighted and ventilatcd to outside air.
3. Floors are of easily cleanable construction.
4. In all schoolhouses hereafter constructed, if electrification is available, all
toilets shall be of the flush type, with disposal into municipal sewage system
or into septic tank approved by the State Health Officer.
5. All plumbing complies with standard plumbing practices and health reg-
ulations.
6. All privies are constructed in accordance with State Board of Health
plans.
7. Adequate toilet facilities of not less than one stool for every 20 girls en-
rolled are provided. One urinal is provided for every 30 hoys enrolled plus one
stool for every 75 boys.
8. All toilet rooms and fixtures are kept clean and in good repair at all times.
9. Toilet paper is supplied for each unit.
Item 7. Water Supply: There shall be an adequate supply of water on the
school property that is from a protected source, which is of safe, sanitary


